NOTES 


O WOO CQUMtCNr ROOM; P*0".*0£ 4" FIAT BLACK VINYL COVE BASE CLUED TO WAILS ALL AROUND. PATCH AND REPAIR EXISTWC 
tKWY PMNI <W aOOR AS NECeSSARY, BATTERY ROOM AND UPS AREA; PATCH AND REPAM EX/SDNC EPCXY PAINT ON ROOR 
* AS NECESSARY. 

2) PKMOC A Usti. OF (2) F1MSH COATS SEW- CLCSS OMJZl fCfl THE ENTIRE ROOM WALLS Of RAOfO EOUtPMENT, BATTERY 
ROOM, CttUKC OF BATTERY ROOM AJ*D UPS AREA. ALL NEW WAUS AND COUNC SHALL ALSO HAVE A LATEX PRIMER COAT. 

3) RAWO'CQUPUENT ROOU WALL SHALL 6£ TWO 5/8* TYPE X GYPSUM WAUBOARO ON BOTH SIDES CF 3 5/8* METAL STUOS 25 
. CACC AT 16* ON CENTER WITH 3 1/2" TWCK R-ll FtEERCLASS WSUATXJN CONSTRUCTED FROM FLOOR TO SLAB. 

4) BATTERY ROOU +H1S SHALL BE TWO 5/8* TYPE X CYPSUU WLIBCARO CM BOTH SIDES CF 3 5/5" 'C STUDS UKPUNCKEO 18 
CASE AT 1ft" CN CENTER WITH 3 1/2" R-H R3EBGLASS KSULADON. BATTERY ROOU CEJUNC TO BE CONSTRUCTED OF 6" X 

Z V JOIST, 18 CAGE COLWC JOSTS AT 16" O.C. WITH 3/*" FIRE-RETAROANT PLYWOOD WITH (2> LAYERS 5/8" TYPE X 
CYPSUH BOARD Ch BQiH S.DCS OF JC*STS AND 6 1/4" R-19 FI8ERCLASS INSULATION. 

5) PROWS METAL FRAME FOR OOUOX OOORS, I 1/2 HOUR UL RATED. IWfiWUM 16 C*C£ STEEL FRAME AND DOOR MJNJUUM 16 
CACt I 3/4" «LL0w MgTAL OOORS, > 1/2 hOlR UL RATED W LOCATIONS SHOWN Off PLAN. DOOR LOCKSET TO BE 
CC«ew~RuSSW!i f ML22S7LWA826 LOCK WITHOUT CYltNOEP. CYUNOERS PROVIDED AND IW STALLED BY OTHERS. 

BUTTS: STANLEY WCftKS FB3I79. 

6) PRCMCe T HKm WJtt PARTITIONS AND 3" W*B£ OOOR *1TH TWO PADLOCK "STAPLES" AT 21" AND 63" AFF. PADLOCKS BY OTHERS. 
■ACORN WIRE AND IRON WORKS TYPE NO, I3CA OR APPROVED EQUAL. LOCK TO BE KEYED SAME AS DOORS fNOTE 5 ABOVE). 

7) tT B A VIOLATION OF LAW FOR ANY PERSON. UNLESS ME IS ACTCC UNDER THE DIRECTION OF A UCENSEO PROFESSIONAL 
r<3N££R. TO ALTER AN ITEM ON TVOS DOCUMENT in ANY WAY. IF AN ITEM BEARING THE SEAL OF AN ENGINEER IS ALTERED. THE 
ALTERING ENGINEER SHALL AFTO KG SEAL AND THE NOTATJOtt 'ALTERED BY* FOLLOWED BY HIS SIGNATURE AND THE DATE OF 
SUCH ALTERATION. ANQ A SPEOFiC D£SOttPT»ON OF TV£ ALTERATION. 


DOOR SCHEDULE 

OOOR 
NO. 

DOOR 

■ FRAME 


REMARKS 

OPENING SIZE 

uAn. 

LVP/ U.C. 

UAT"L 

JUM3 

HEAD 

SADDLE 

UL LABEL 

HDWR SET 

801 

2{3"-0" x r-o") 

KM. 


KM, 




C 

NOTE 5 

SEE NOTE 5 AND DOOR BETA*. ON TWS ORAWNC 

802 

2<2"-S" i r-o") 

KM. 






C 

NOTE 5 

SEE NOTE 5 ANO DOOR OETKL ON TWS DRAWING 

803 

3"-o* x r-o* 

WJW. 


sn. 





NOTE 6 

SEE NCTE 6 


r 


2 HOUR FIRE RATED SEALANT (TYP) 



COL, NO 
(TW>) 



J 


IS' -8 3/*' 


70" x *y DUCT 


-y DiAWEiEa a>xx 

fJt, >!"-!* AfT 


radio equipment room 


r- TWO LAYERS OF 3/8" CYPSuu 

ecwo n>£ x on both sees 
of 3 s/8" as cage un*. 

smcs. is' O.C. SEE NOtC 3. 
ALSO SEE STRUCTURAL CRMCKCS 
FOR FRAMSNC AROUND EXISTING 
OUCTWORX. 


5 •„ 


-wawm 


15 3/8-^r^f-,^ 


won: 


I STEEL MUST BE PUT 
in PlACE P«*R TO 
CONSTRUCTION OF 

j BATTERY ROOU WALLS. 

I SEE STRUCTURAL 

I C*AJ«NC S-SOJ. 


■ rtto wins cf 5/8 

C*T>SUU BOARD Trt>£ X 
CH BOTH S&ES OF 
3 5/8". 18 CACC «STM. 
S*bOS, l»* 0.C 
5EE NOTE *_ 


Si'-s* x r 
dcjsle doors 
SEE NOTE a 


li 5/18" 



UPS AREA 


f- SEOIRI TO FLOOR 
fWTM FLOOR SOCKCIS 
(ff 3) 


P^mciN, 3CE N0*E 8. 


plate, see 
■-eoe for 


EXTSriNC SLAB ABOVE 
25 CACE TOP RUNNER 


— TWO LAYERS 5/8" TYPE X 

CYPSUU BOARD CN BOTH SIDES. 

- 8 1/8" 

— 3 5/3" METAL ST JOS 
25 CAGE 18" ON CENTER 

-3 1/2" R-11 '^"CLASS INSULATWN 

, — *" co - base 

j — VNYL TILE 



3/4" FIR£-R£TAR0ANT PLY«X» 
PERlUCTEf* CHAKNEL 

e 1/4* n8CFfcv..<i 


/ [WSULADON (R-1P) 


TWO LAYERS 5/8* TYPE X 
CYPSUU 80ARO ON BOTH SICCi, 

8 CAGE TOP RUNNER 

TWO LAYERS fl/8* r*P£ * 
CYPSUU BOARD ON BOTH SIDES. 


3 5/8" *C* STUOS. UNPuNCHED, 
18 CACE 18" ON CENTER 

3 1/2" R-11 FIBERGLASS iNSm/WJ 

— 6 1/8" 

EPOXY PAJNT aOOR 


EXISTING aocR 
\— 2 HOUR FIRE RATED SEalajiT 
V— 18 CAGE BOTTOM RUNNER 


ExisnNC aooR 

2 HOUR F.RE RATED SEALANT (TYP) 
IS CACE BOTTOM RUNNER 


TYPICAL RADIO EQUIPMENT ROOM WALL TYPfCAL BATTERY ROOM WALL 


TYPICAL 2-HOUR FIRE RATED WALLS 


/-score to aocf 

f PYP. 2) 


PARTIAL FLOOR PLAN 


8 4 6 6 
SCALE IN FECt ' 


18 CA. BEARiNC- 

plate (typ,) 


1 1/2" DOUBLE 
C-.'dSr. I6GA. HEADER 


18CA, BENT V PLATE 
3" wide WITH 2-#10 
SCRC*S TO HEADER ft 
2-#iO SCREWS TO 
JAUB. 

■ DOUBLE JAMS C- STUOS 
3 5/8* 18 CACE 



6" WIDE DOOR FRAMING DETAIL 


6 j/a" 


3 1/2" R-11 FIBERGLASS 
INSULATION 



(2) LAYERS 5/8 CYPSUU BOARD TYPE X 
ON BOTH SiOes OF 3 9/8" METM. STUOS 
'IB OA. fOR BATTERY ROOU ANO 25 CA. 
OR RAOK) EO«PUENT ROOM) 18" O.C. 

UETAL FRAUE, 1 1/2 HOUR UL. 
IS CAGE STEEL FRAME 


METAL | j/*" OOOS. > */2 KM* W. 
16 CACE 


METAL FRAME 


METAL OOOR 


METAL OOOR 


vm. WCATHCR 
STRiPPiW- 


EWIMS FLOOR 


OOOR DETAIL 


TRACK ATTACHED TO SLAB 


RAOC EQUIPMENT SCCW 
SLAB HEIGHT - 16"- 8" 



2) LASERS IYPE * 

,vPi»M BOARD 


BATTERY ROOM 

jost k«Cmt « a"- i i/*' 


SECTION 


6" X 3* "J" jOtSt 
A — A (M)T >D SCAiE) 
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10 W«o«Vi^t Crlt, Oft* 
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<• x :* j" jc«t ia ca. is" oc *t cr**-» - e - t 


BATTERY ROOM CEILING JOIST LAYOUT 


12 3 4 


ICAU tw flEI 
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STANDBY POWER 
5 WORLD TRAOE CENTER 

COMMUNICATIONS 


CONSTRUCTION PLAN, 
WALL SECTIONS, 
DOOR DETAILS AND NOTES 
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